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action of governors.    During the steam   trials, however, they are  simply
set to act as safety governors, which they have done to perfection, never having been out of action, or having allowed the speed of the engine to exceed the limit to which they are set.
The boiler (Fig. 8) is of the locomotive type with iron tubes and fire-box, the shell being of steel -^ inch thick. The tubes are 2 inches in external diameter and 8 feet long, giving 160 square feet of tube surface. The fire-box is -f^ inch thick, 2 feet 3 inches by 2 feet 4- inches, 4 feet high, giving 42 square feet of heating-surface.
The area of the grate as used is not more than 4 square feet.
The boiler is furnished with a dome, from the top of which the steam-pipe descends and passes out at the side.